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is at disposal, whereas the rest of the water has to be made good
by the action of the exhaust steam itself.

The head of the condenser can be turned at right angles or in any
direction admissible by the bolt spacing, so as to be most convenient
for pipe connections or for handling.

When   all   the  water  is   supplied  under  pressure,   the   opening
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FIG. 268.   INDUCTION
CONDENSER.

FIG. 269.    CONDENSER WITH AUTOMATIC
DISCHARGE VALVE.

marked " steam," as also the opening C, are blanked. When water
is taken under suction, and pressure water used for starting, the
opening C is blanked. When water is taken under high suction
and steam used for starting, then a check valve is attached to open-
ing C and the overflow pipe connected to discharge free or into the
main discharge pipe.